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NATIONAL FOREWORD 

This Indian Standard is identical with IEC 72-2 (1990) "Dimensions and output series for rotating electrical 
machines — Part 2 : Frame numbers 355 to 1 000 and flange numbers 1 180 to 2 360*. 

The text of the IEC standard has been considered and approved by the Rotating Machinery Sectional 
Committee (ET 15) of Bureau of Indian Standards as suitable for publication as Indian Standard superseding 
the contents of IS 8223 : 1976 'Dimensions and output ratings for foot mounted electrical machines with frame 
numbers 355 to 1080'. 

Certain conventions appearing in this dual number standard are not identical to those used in Indian 
Standards. Attention is particularly drawn to the following: 

a) Wherever the words 'International Standard' appear referring to this standard, they should be read as 
'Indian Standard'. 

b) Comma ( , ) has been used as a decimal marker while in Indian Standards, the current practice is to use 
a point ( . ) as the decimal marker. 

c) Only the English language text in the IEC standard has been retained while adopting it in this Indian 
Standard. 

In this Indian Standard the following International Standards are referred to. Read in their respective places the 
following: 

International Standard Indian Standard 

IEC34-8 : 1972 IS4728 : 1975 

IEC72-1:1990 IS 1231: 1974 

For the purpose of deciding whether a particular requirement of this standard is complied with, the final value, 
observed or calculated, expressing the result of a test, shall be rounded off in accordance with IS 2 : 1960 'Rules 
for rounding off numerical values ( revised )\ The number of significant places retained in the rounded off 
value should be the same as that of the specified value in this standard. 
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Indian Standard 

DIMENSIONS AND OUTPUT SERIES FOR ROTATING 
ELECTRICAL MACHINES 

PART 2 FRAME NUMBERS 355 TO 1 000 AND FLANGE NUMBERS 1 180 TO 2 360 



1 Scope 

This part of IEC 72 relates to all kinds of rotating electrical machines with a horizontal shaft, and 
with any one of three specific types of foot mounting — i.e. machines with feet down, machines with 
feet up, and machines for which the bed-plate is an integral part — and with mounting flange for which 
the shaft height in the feet down version is between 355 mm and 1000 mm and pitch circle diameter 
of fixing holes between 1 180 and 2 360 mm. 

2 Letter-symbols for dimensions 

The symbols defined below are illustrated by the dimensional sketches in clause 7. 

A — distance between centre-lines of fixing holes (end view). 

AA — width of the end of the foot. (end view). 

AB — overall dimension across the feet (end view). 

AC — diameter of the machine. 

AD — distance from the centre-line of the machine to extreme outside of the terminal box or other 

most salient part mounted on the side of the machine. 
B — distance between the centre-lines of the fixing holes (side view). 
BA — length of the foot (side view). 
BB — overall dimension across the feet (side view). 
C — distance from the shoulder on the shaft at D-end to the centre-line of the mounting holes 

in the nearest feet. 
CA — distance from the shoulder on the shaft at N-end to the centre-line of the mounting holes 

in the nearest feet. 
D — diameter of the shaft extension at D-end. 
DA — diameter of the shaft extension at N-end. 
E — length of the shaft extension from the shoulder at D-end. 
EA — length of the shaft extension from the shoulder at N-end. 
F — width of the keyway of shaft extension at D-end. 
FA — width of the keyway of the shaft extension at N-end. 
G — distance from the bottom of the keyway to the opposite surface of the shaft extension at 

D-end. 
GA — distance from the top of the key to the opposite surface of the shaft extension at 

D-end. 
GB — distance from the bottom of the keyway to the opposite surface of the shaft extension at 

N-end. 
GC — distance from the top of the key to the opposite surface of the shaft extension at 

N-end. 
GD — thickness of the key of the shaft extension at D-end. 
GE — depth of the keyway at the crown of the shaft extension at D-end. 
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GF — thickness of the key of the shaft extension at N-end. 

GH — depth of the keyway at the crown of the shaft extension at N-end. 

H — distance from the centre-line of the shaft to the bottom of the feet (basic dimension). 

H' — distance from the centre-line of the shaft to the mounting surface — e.g; the bottom of the 

feet — in the feet-up version, 
HA — thickness of the feet. 

HC — distance from the top of the horizontal machine to the bottom of the feet. 
HD — distance from the top of the lifting eye, the terminal box or other most salient part mounted 

on the top of the machine to the bottom of the feet. 
HE — distance from the mounting surface to the lowest part of the machine in the feet-up 

version. 
K — diameter of the holes or width of the slots in the feet of the machine. 
L — overall length of the machine with a single shaft extension. 
LA — tickness of the flange. 

LB — distance from the mounting surface of the flange to the end of the machine. 
LC — overall length of the machine when there is a shaft extension at N-end. 
M — pitch circle diameter of the fixing holes. 
N — diameter of the spigot. 
P — outside diameter of the flange, or in the case of a non-circular outline twice the maximum 

radial dimension. 
R — distance from the mounting surface of the flange to the shoulder on the shaft. 
5 — diameter of the fixing holes in the mounting flange or nominal diameter of the thread. 
/ — depth of the spigot. 

NOTE — The designation of D and N-end of a machine is given in IEC 34-8. 

3 Designation of machines 

3.1 Foot-mounted machines 

Frame sizes and shaft extensions shall be designated in the following way, by using the dimensions H, 
H\ A, B, Q D and E in millimeters. 

H(A/B/C)D/E or H/H' (A/B/QD/E 

Example: 710 (1180/1800/280) 130/200 

3.2 Flange-mounted machines 

Flange and shaft extensions shall be designated in the following way, by using the dimensions M, 5, 
Z> and E in millimeters, the number of holes and the prefix FF if the flange has a spigot or FD if 
it has no spigot, under following form: 

FF M (number of hdies/5) D/E for flange with spigot 
FD M (number of holes/5) D/E for flange without spigot. 

Example: FF 1500 (12/28) 130/200 

3.3 Foot- and flange-mounted machines 
Combine 3.1 and 3.2 as follows: 
H(A/B/C) FF M (number of holes/5) D/E. 
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4 Fixing dimensions 

Recommended values for dimensions H t A, B and C are given in 4.1 to 4.4. In the tables, the values 
given in IEC 72-1 are printed in italics. Dimensions for mounting flanges are given in 4.5. 

4.1 Shaft heights 

The shaft-heights are taken from ISO 496. 

4.1.1 Machines with the mounting surface of the feet below the lowest point of the frame (feet down) : 

355 400 450 500 560 630 710 800 900 1000 

4.L2 Machines with the mounting surface of the feet above the lowest point of the frame (feet up): 



160 250 315 400 500 630 800 

4.2 A dimensions 

Values for A dimensions are given in table 1. They are taken from the R 40 series with the exception 
of the values 610 mm and 686 mm. 

Tkble 1 — A dimensions 

























Dimensions in mittimet/ts 


H 


Values for A 


355 


450 


475 


500 


530 


560 


610 


630 


670 


710 


750 


800 


850 


900 


400 


500 


530 


560 


600 


630 


686 


710 


750 


800 


850 


900 


950 


1000 


450 


560 


600 


630 


670 


710 


750 


800 


850 


900 


950 


1000 


1060 


1120 


500 


630 


670 


710 


750 


800 


850 


900 


950 


1000 


1060 


1120 


1180 


1250 


560 


710 


750 


800 


850 


900 


950 


1000 


1060 


1120 


1180 


1250 


1320 


1400 


630 


800 


850 


900 


950 


1000 


1060 


1120 


1180 


1250 


1320 


1400 


1500 


1600 


710 


900 


950 


1000 


1060 


1120 


1180 


1250 


1320 


1400 


1500 


1600 


1700 


1800 


800 


1000 


1060 


1120 


1180 


1250 


1320 


1400 


1500 


1600 


1700 


1800 


1900 


2000 


900 


1120 


1180 


1250 


1320 


1400 


1500 


1600 


1700 


1800 


1900 


2000 


2 120 


2 240 


1000 


1250 


1320 


1400 


1500 


1600 


1700 


1800 


1900 


2000 


2120 


2240 


2 360 


2 500 



NOTE — For machines with feet up, A dimensions should be chosen from the lines corresponding to the shaft height 
H that the machine would have had with feet down. 

This normally corresponds to the Renard number equal or nearest higher to the distance from the shaft axis to the 
lowest point of the machine. 
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4.3 B dimensions 

Values for B dimensions are given in table 2 and are taken from the Renard series R 20. 

Other values of B than those given in table 2 may be used, provided they are taken from the 
R 20 series. 

Tkble 2 — B dimensions 



























Dimensions in millimetres 


H 


Values for B 


355 






280 


315 


355 


400 


450 


500 


560 


630 


710 


800 


900 1000 1120 


400 






315 


355 


400 


450 


500 


560 


630 


710 


800 


900 


1000 1120 1250 


450 






355 


400 


450 


500 


560 


630 


710 


800 


900 


1000 


1120 1250 1400 


500 






400 


450 


500 


560 


630 


710 


800 


900 


1000 


1120 


1250 1400 1600 


560 






450 


500 


560 


630 


710 


800 


900 


1000 


1120 


1250 


1400 1600 1800 


630 






500 


560 


630 


710 


800 


900 


1000 


1120 


1250 


1400 


1600 1800 2000 


710 




500 


560 


630 


710 


800 


900 


1000 


1120 


1250 


1400 


1600 


1800 2000 2240 


800 


500 


560 


630 


710 


800 


900 


1000 


1120 


1250 


1400 


1600 


1800 


2000 2240 2500 


900 


500 560 


630 


710 


800 


900 


1000 


1120 


1250 


1400 


1600 


1800 


2000 


2 240 2 500 2 800 


1000 


500 560 630 


710 


800 


900 


1000 


1120 


1250 


1400 


1600 


1800 


2000 


2240 


2500 2800 3 150 



NOTE — For machines with feet up, B dimensions should be chosen from the lines corresponding to the shaft height 
// that the machine would have had with feet down. 

This normally corresponds to the Renard number equal or nearest higher to the distance from the shaft axis to the 
lowest point of the machine. 

4.4 C dimensions 

The values for C dimensions are the following (independent of shaft-height): 

100 200 224 250* 280 315 335 355 375 400 425 450 475 500 530 560 600 
630 670 710 750 800 900 1000 

* NOTE — To comply with IEC 72-1 for H = 355, the value 254 for C should be used instead of 250. 

The values 200-315 and 800™ 1 000 are taken from the R 20 series, and the values 315-800 from the 
R 40 series. 



4.5 Mounting flange dimensions 



Table 3 
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Flange number 


M 

mm 

i) 


N 
mm 

2) 


P 

mm 

3) 


R 
mm 

4) 


s 

mm 

5) 


T 

mm 

6) 


Maximum 

fillet 

radius of 

spigot 

mm 


Number 
of holes 


Mounting screw 
size 


with 
spigot 


without 
spigot 


FF1180(8 
or 16/28) 


FD1180(8 
or 16/28) 


1180 


1120 


1250 





28 


'j 


0.5 


8 or 16 


M24 


FF1320 (8 
or 16/28) 


FD1320 (8 
or 16/28) 


1320 


1250 


1400 





28 


*i 


0,5 


8 or 16 


A/ 24 


FF1500 (12 
or 24/28) 


FD1500 (12 
or 24/28) 


1500 


1400 


1600 





28 


>i 


0,5 


12 or 24 


M2A 


FF1700 (12 
or 24/28) 


FD1700 (12 
or 24/28) 


1700 


1600 


1800 





28 


•i 


1 


12 or 24 


M24 


FF1900 (12 
or 24/35) 


FD1900 (12 
or 24/35) 


1900 


1800 


2000 





35 


>S 


1 


12 or 24 


M 30 


FF2120 (12 
or 24/35) 


FD2120 (12 
or 24/35) 


2120 


2000 


2240 





35 


«1 


1 


12 or 24 


M30 


FF2360 (16 
or 32/35) 


FD2360 (16 

or 32/35) 


2 360 


2240 


2 500 





35 


< 


1 


16 or 32 


M 30 



Holes S are in the true position in reference to nominal M dimension (true concentric with datum circle N), with tolerance 
0t = 2 mm for 5 = 28 mm and 0( = 2,5 mm for S = 35 mm (see ISO 1101 for 0/). 

*) Tolerance: h8. By agreement a reduced tolerance, h6, may be applied. 
The spigot bore tolerance win be H9 with h8 and H7 with h6. 

3) Maximum value (without a positive allowance); lower values and flats and cut-outs are permitted. 

4 > R - 0, unless otherwise agreed between the manufacturer and the purchaser. 

5) Tolerance: H17. Closed ><" open slots are allowed. By agreement a reduced tolerance zone H14 may be applied. 

*> The spigot should be rounded towards the flange face and chamfered towards the spigot face. An adequate length of the 
cylindrical spigot section should be provided. 



5 Shaft extension dimensions, keys and keyways. Greatest permissible torques on continuous duty for ax. motors 



Tkble4 






C\ 





Diametei 




B) 


Key 


Keyway 




Greatest 






























D 




(EA) 




F 






GD 






F 






GE 




GA 


torque on 




(DA) 






(FA) 






(GF) 






(FA) 






(GH) 




(GQ 


continuous 




































duty for 




































Nomina] 


Tolerance 


Long 


Short 


Nominal 


Tolerance 


Nominal 


Tolerance 


Nominal 


Tolerance 


Tolerance 


Nomina! 


Tolerance 


Nominal 


a.c. motors 3 ) 


value 
mm 


rr 


6 


series 
mm 


series 
mm 


value 
mm 


h9 


value 
mm 


hll 


value 
mm 


N92) 


P92) 


value 
mm 






value 
mm 


Nm 


Um 


um 


Mm 


um 


urn 


}im 


urn 


urn 


urn 


um 


ii m 


am 


90 


+ 35 


+ 13 


170 


130 


25 





-52 


i4 





-no 


25 





-52 


-22 


-74 


9 


+ 200 





95 


1900 


95 


+ 35 


+ 13 


170 


130 


25 





-52 


14 





-no 


25 





-52 


-22 


-74 


9 


+ 200 





100 


2 360 


100 


+ 35 


+ 13 


2i0 


165 


28 





-52 


16 





-no 


28 





-52 


-22 


-74 


10 


+ 200 





106 


2 800 


110 


+ 35 


+ 13 


210 


165 


28 





-52 


16 





-no 


28 





-52 


-22 


-74 


10 


+ 200 





116 


4000 


120 


+ 35 


+ 13 


210 


3 65 


32 





-62 


18 





-no 


32 





-62 


-26 


-88 


11 


+ 200 





127 


5 300 


125 


+ 40 


+ 15 


210 


165 


32 





-62 


18 





-no 


32 





-62 


-26 


-88 


n 


+ 200 





132 


6000 


130 


+ 40 


+ 15 


250 


200 


32 





-62 


18 





-no 


32 





-62 


-26 


-88 


11 


+ 200 





137 




140 


+ 40 


+ 15 


250 


200 


36 





-62 


20 





-130 


36 





-62 


-26 


-88 


12 


+ 300 





148 




150 


+ 40 


+ 15 


250 


200 


36 





-62 


20 





-130 


36 





-62 


-26 


-88 


12 


+ 300 





158 




160 


+ 40 


+ 15 


300 


240 


40 





-62 


22 





-130 


40 





-62 


-26 


-88 


13 


+ 300 





169 




170 


+ 40 


+ 15 


300 


240 


40 





= 62 


22 





-130 


40 





-62 


-26 


-88 


13 


+ 300 





179 




180 


^■40 


+ 15 


300 


240 


45 





-62 


25 





-130 


45 





-62 


-26 


-88 


15 


+ 300 





190 




190 


+ 46 


+ 17 


350 


280 


45 





-62 


25 





-130 


45 





-62 


-26 


-88 


15 


+ 300 





200 




200 


+ 46 


+ 17 


350 


280 


45 





-62 


25 





-130 


45 





-62 


-26 


-88 


15 


+ 300 





210 




220 


+ 46 


+ 17 


350 


280 


50 





-62 


28 





-130 


50 





-62 


-26 


-88 


17 


+ 300 





231 





') !n cases where the operating conditions are well defined, shaft extension dimensions may also be selected in accordance with existing ISO standards. 
2) The keyway tolerance N9 applies for normal keys, and P9 for fitted keys. 

- 1 ) The torque values are chosen from the R 40 series. In cases where the operating conditions are well defined, torque values might also be selected in accordance with existing 
ISO standards. 






00 
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6 Preferred rated output values 
Values are taken from the R 40 series. 
kw 

280, 300, 315, 335, 355, 375, 400, 425, 450, 475, 500, 530, 560, 600, 630, 670, 710,^50, 800, 850, 900, 

950, 1000 

For equivalent horsepower (HP) values, see annex D of IEC 72-1. 

For generators the output shall be expressed in kilowatts (kW) or in kilovoltamperes (kVA), using the 

above values. 

7 Dimensional sketches 

7.1 Principal dimensions, machines with undefined shape, and with feet down 




7 
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7.2 Principal dimensions, machines with undefined shape, and with feet up 




7.3 Principal dimensions, machines with defined shape, and with feet down 




7.4 Shaft extension dimensions 
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7.5 Principal dimensions, machines with defined shape and with mounting flange, with spigot 
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.6 Principal dimensions, machines with defined shape and with mounting flange, without spigot 
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